flfith FIQQB 


SEE RISER OWC E-16 ft 
DWG £-11 FOR CONTINUATION. 

5-4' CONDUITS. 
4#500KO«L. ft 
1#4/0 GND WRE 


CUT ft REMOVE 
EXISTING CONDUITS 

SPUCE BOX (TYP). 

CABLE TAP BOX. 
EXISTINC 1 1 /rc TO REMAIN 



ELEVATOR 
PE #21 



SWEEP CONDUITS 
ABOVE TEL COT. r 


EXISTING LIGHT 
FIXTURE TO 
REMMNpYP) 


r 
i 

i i 
i i 

EXISTING 1" TELEPHONE 
CONDUIT TO REMAIN 

CONDUCTS TO RUN 
OVER EXISTING. SEE 
SECTION "B-B*. 


DOWN TO CIRCUIT 
BREAKER #66-2 
SEE SCHEDULE ON 
THE DRAWING FOR 
FEEDER SCTE 


EXISTING LTG 
PANEL 


EXISTING METER 


EXISTING 0»ST PANEL 


EXISTING 120/208V 
BUSWAY TO REMAIN 

EXIST. PANELBOARD 
TO REMAIN 

2COOA COPPER BUSWAY. 
SEE GEN. NOTE #7, DWG 
E-1. 

l#4/0 TO BUILDING 
GND RISER 

EXISTING V+"C 
TO REM1AN 

REROUTE EXJSlTNG CONDUIT 
AROUND CABLE TAP BOX. 
MAKE ALL SPLICES IN NEW 
JUNCTION BOXES. 

EXISTING 3/4TC TO REMAIN 
LOCATED ABOVE 1 1/2*C 


84 NORTH PLAN 




DISCONNECT ft REMOVE EXISTING 
IN FUSED SWITCHES AND 
WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY, 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEILING AREA 


EXISTING BUSWAY 
TO REMAIN 


TRANSITION BOX. 

TO EXIST LIGHTING PANEL. 

2000A COPPER BUSWAY, 
SEE GEN. NOTE #7. OWC 
E-1. 

SEE GENERAL N0TE#9. 
DWG E-1. 


BUSWAY ®mCH REPLACEMENT Si 

MEDULE 

§ 

EXIST. SW. 
SIZE 

EXIST. FUSE 
RATING 

NEW BREAKER 
RfflNG 

NEW 

NEW 

COT 

REMARKS 

66-1 

20QA 

12SA 

225AF/125AT 

4|1 CU 

1 Var 


66-2 

200A 

12SA 

229AF/1S5AT 

*#i cu 

1 Vr 


65-1 

200A 

125A 

22SAF/12SAT 

4#1 CU 

i w 


85-1 

200A 

125A 

225AF/125AT 

4#1 CU 

1 /T 

















EXISTING CONDUITS 
TO REMAIN 

RELOCATED J/4" 
CONDUIT 

CEKJNG 


DOWN TO CIRCUIT 
BREAKER #66-1 
SEE SCHEDULE ON 
THIS DRAWING FOR 
FEEDER SIZE 

EXISTING 120/2O8V 
BUSDUCT TO REMAIN. 

2O00A COPPER BUSWAY. 
SEE GEN. NOTE #7, DWG 
E-1. 

EXISTING 
PANELBOARDS 
TO REMAIN. 

1#4/0 TO BUILDING 
GND RISER 


-ROTATE EXISTING- 
UGHT FIXTURES 
180*. FIXTURE 
CKT FEEDS SHALL 
ENTER FIXTURE 
FROM NORTH. 


65 NORTH PLAN 



DOWN TO CIRCUIT 
BREAKER #66-1 
SEE SCHEDULE ON 
THIS DRAWING FOR 
FEEDER SIZE 


STRUCTURAL 
'I-BEAM* — [ 


EXISTING TEL 
CONDUIT TO 
REMAIN 



5) 4" CONDUITS 
N 2 TIER 


66 NORTH PLAN 


SECTION 'B-B 1 


REMOVE EXISTING 1600A ALUMINUM 
BUSWAY SEE GENERAL NOTE #13 ft 
#14, DWG E-1. 

REMOVE EXISTING PLUG-IN SWITCH 
FROM EXISTING BUSWAY ft REINSTALL 
AFTER INSTALLATION OF REPLACEMENT 
BUSW^rS. REPLACE EXISTING PANEL 
FEEDERS AS REQUIRED. 

1600A. 480/277V 
ALUMINUM. PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 

EXISTING BUSWAY 
TO REMAIN (TYP) 


NOTES: 

1. SEE DRAWING E- 


1 FOR BUSWAY SCHEDULE ft GENERAL NOTES. 


84th FLOOR SECTION A-A 
& PART RISER 


EXISTING 1600 A 
BUSWAY TO 
REMAIN. 



REMOVE 1 EXIST PLUG-IN 
DISC. SWITCH ft RE- INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 


UTILIZE EXISTING 
BUSWAY FLOOR 
SUPPORTS. 

DISCONNECT £ REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEILING AREA 


CEILING 
CONSTRUCTION 

SHEETROCK 


EXISTING 
DOOR 


TRANSITION 


1600A, 480/277V 
ALUMINUM, PAIREO PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 


HOLLOW BUSWAY 
ENCLOSURE TO ATTACH TO 
EXISTING BUSWAY 
STRUCTURAL SUPPORT. 
CAP EXISTING BUSWAY. 

fiZiti^ELOOR 


CAP BUSWAY 
TO EXIST OlST PANEL. 

TO EXIST LIGHTING PANEL 
66th. FLOOR 


DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

TO EXIST LIGHTING PANEL. 

2000A COPPER BUSWAY. 
SEE GEN. NOTE #7. DWG 
E-1. 

65th FLOOR 


SEE GENERAL N0TE#9. 
DWG E-1. 


REMOVE 1 EXISTING PLUG-IN SWITCH 
FROM EXISTING BUSWAY ft REINSTALL 
AFTER INSTALLATION OF REPLACEMENT 
8USWAYS. REPLACE EXISTING PANEL 
FEEDERS AS REQUIRED. 

REMOVE EXISTING 1600A ALUMINUM 8U3WAY. 
SEE GENERAL NOTE #13 ft 14 DWG E-1. 

EXIST 16C0A BUSWAY 
TO REMAIN (TYP) 

64th FLOOR 


f 


SHAFT 
ELEC. 
AREAS 


t 


IB6CE (g) 


J 


VtiQ WQftLP 
ISAfiE 


r 


65th FLOOR SECTION A-A 
& PART RISER 


V 


WORK AREA KEY Pi AN 


2*3 „ 41 



Program Mmger 


EDWARDS and ZUCK, PX, 

CONSULTING ENGWEflB 

330 Waal 4M ttra* Nm ttofc. tff tOOM 
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© IM2 Umr* «* ZMtKC. 



No. Dote fe-Jtoton 


"1 



tin 

ID 

m 


ttt 





Dfa 

• 





e- 




n 





W? 





m 

er 




- 


-I 


n 



1 


T 


at 












T«t 


LOW VOLTAGE MSmwm 

ONE WTC 

ELECTRICAL 

•tm tent, * 

S4TO PLOOt 

NORTH 3*DE 
ELECTRIC CLOSET PART PLAN 


Thb drawing Mbj*ct to conditions in contract. 
All tnvtntion*. kJ*o», dnigns and method* 
htnrin or* nmrvvd to Port Authority and 
may not b* uMd without it** written conawit 
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Date 10/4/93 
Contract Numb* 
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CftKtwd by 
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E-12 
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